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Surface  temperatures  of  4-plv  built-up  roofs  insulated  with  <1)1  inch  of  perlite  (R  = 
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inches  of  glass  fiber  (R  =  7.7)  arc  presented.  Energy  factors  are  shown  in  terms  of 
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cooling,  and  insulation  efficiency.  Results  indicate  that  for  a  black  surface,  solar  heat 


DO  1473  COi'MON  OF  1  NOV  AS  IS  OBSOL  F  TE 


(continued) 


_ Unclassified _ _ _ 

SECURITY  Cl  ASSIF'IC  ATiON  OF  This  PACE  <  Pete  Entered* 


I'ni'lassiticcl 

SECURITY  CLASSIFICATION  of  This  PAGEflFh*/!  Date  entered) 


20.  Continued 

response  is  significantly  higher  in  the  roof  portion  with  the  higher  K-value.  Solar  heat 
response  is  directly  affected  by  color  of  surfacing;  lowest  to  highest  values  were  found 
with  white,  white  gravel,  gray  gravel,  aluminum-grav,  and  black.  Recommendations 
are  given  for  reducing  surface  temperatures  of  insulated  built-up  roofs. 


Lihr.irx  Card 

Civil  I  nginecring  Laboratory 

I  Nl  Rc;v  L ACTORS  AND  TI-MI’I  RATCRI  DISTRIBUTION 

IN  1NSULATFD  BUILT-UP  ROOFS,  by  John  R  Keeton  anti 

Robert  L.  Alumbaugh,  Ph  D 

TN-1600  80  pp  illus  February  198)  Unclassified 

I.  Built-up  roofs  2.  Insulation  I.  Z-R000-01-1 52 

Surface  temperatures  of  4-ply  built-up  roofs  insulated  with  ( 1 )  1  inch  of  perlite  (R  = 

2  8)  anil  2-1/2  inches  of  urethane  (R  -  19.2)  and  (2)  1  inch  of  urethane  (R  =  7.1)  and  1-7/8 
inches  of  glass  fiber  (R  =  7.7)  are  presented.  I.ncrgy  factors  are  shown  in  terms  of 
temperature-time  areas  defined  as  solar  heat  response,  cooling  (heating)  required,  radiative 
cooling,  atul  insulation  efficiency.  Results  indicate  that  for  a  black  surface,  solar  heat 
response  is  significantly  higher  in  the  roof  portion  with  the  higher  R  value.  Solar  heat 
response  is  directly  affected  by  color  of  surfacing,  lowest  to  highest  values  were  found  with 
white,  white  gravel,  gray  gravel,  aluminum-gray,  and  black.  Recommendations  arc  given  for 
reducing  surface  temperatures  of  insulated  built-up  roofs. 


Unclassified 


SFCllRiTv  CL  ASSlf  IL  AT  ION  Of 


S  PAGE  'When  r>»f*  biMfftdl 


CONTENTS 


« 


INTRODUCTION 


Page 

1 


EXPERIMENTAL  PROGRAM 


1 


TEST  RESULTS  -  SUMMER .  2 

ITCB  No.  1:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  Black  Roof  Surface  .  2 

ITCB  No.  1:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  White  Gravel  Roof  Surface  .  5 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  White  Roof  Surface  .  6 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  Aluminum  Gray  Roof  Surface  .  7 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  Gray  Gravel  Roof  Surface .  8 

ITCB  No.  3:  1  Inch  Urethane/ 1 -7/8  Inches  Glass 

Fiber  -  Black  Roof  Surface .  9 

ITCB  No.  3:  1  Inch  Urethane/1-7/8  Inches  Glass 

Fiber  -  Gray  Gravel  Roof  Surface . 10 

TEST  RESULTS  -  WINTER .  10 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  White  Roof  Surface .  10 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  Aluminum  Gray  Roof  Surface .  11 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch 

Perlite  -  Gray  Gravel  Roof  Surface . 12 

GENERAL  DISCUSSION  OF  TEST  RESULTS  .  13 

Solar  Heat  Response .  13 

Radiative  Cooling  .  15 


CONCLUSIONS  .  . 
RECOMMENDATIONS 
ACKNOWLEDGMENTS 
REFERENCES  .  . 


*  *  ■  .f 


16 

17 

17 

17 


'■  '0':/ 

litv  Codes 
i  ;,i.i/or 


1 


V 


□  □ 


INTRODUCTION 


For  many  years  built-up  roofs  (BUR)  were  constructed  with  little  or 
no  insulation.  When  building  owner  and  architect  agreed  that  some 
insulation  was  desirable,  it  often  amounted  to  a  layer  of  mineral  fiber- 
board  or  perlite  board  from  1/2  to  1  inch  thick.  In  the  days  of  ample 
energy  for  heating  and  cooling  and  of  seemingly  endless  supplies  of 
crude  oil,  this  meager  provision  for  energy  conservation  seemed  reasonable 

As  prices  for  energy  began  to  rise  and  fuel  shortages  began  to 
appear  in  the  mid-1960s,  manufacturers  of  roofing  materials  along  with 
chemical  manufacturers  began  to  develop  and  produce  more  exotic  insula¬ 
tions,  such  as  cellular  plastics  (urethane  foam  and  polystyrene  foam) 
and  glass  fiber.  By  the  mid-1970s,  all  government  agencies  began  to 
document  energy  conservation  requirements.  The  Department  of  Defense 
(DOD)  Construction  Criteria  Manual  4270. 1M  of  October  1972  required  an 
overall  coefficient  of  heat  transmission  (U)  of  0.05  Btu/  hr/ft2/°F 
(R  =  20)  for  roofs.  It  was  realized  that  rather  large  heat  losses 
through  roofs  could  be  vastly  reduced  with  adequate  insulation. 

Since  by  far  the  vast  majority  of  roofs  are  built-up,  most  of  the 
applications  of  thicker  insulation  have  been  in  these  roofs.  There  has 
been  serious  concern  in  the  roofing  industry  that  thicker  insulation 
(higher  thermal  resistance)  in  a  built-up  roof  may  cause  extremely  high 
membrane  temperatures  which  could  severely  shorten  the  service  life  of 
the  roof  by  accelerating  deterioration  of  the  asphalt  ingredients 
(premature  loss  of  volatile  components,  hardening,  and  cracking  of  the 
asphalt)  (Ref  1  through  3).  In  a  National  Bureau  of  Standards  report 
published  in  1976,  Rossiter  and  Mathey  maintained  that  built-up  roof 
temperatures  increase  substantially  as  insulation  thickness  is  increased 
up  to  1  inch,  but  that  insulation  thicker  than  1  inch  will  not  add 
significantly  to  the  built-up  temperatures  (Ref  4). 

To  investigate  the  effects  of  higher  insulation  thicknesses  (high 
thermal  resistance)  upon  temperatures  in  built-up  roofs,  the  Civil 
Engineering  Laboratory  (CEL)  began  a  research  study  which  has  involved 
construction  and  instrumentation  of  insulated  built-up  roofs  placed  on 
small,  temperature-controlled  buildings. 


EXPERIMENTAL  PROGRAM 

Insulated  temperature-controlled  buildings  (ITCB)  were  designed  and 
built  to  accommodate  a  roof  size  of  8  x  8  feet.  Each  8  x  8-foot  roof 
consisted  of  two  4  x  8-foot  sections  to  provide  for  two  different  hot- 
mopped,  4-ply  built-up  membranes  placed  over  3/4-inch  plywood.  Asbestos 
felts  were  used  in  construction  of  the  4-ply  built-up  membranes.  Tem¬ 
perature  inside  the  ITCB  was  controlled  in  summer  by  an  air  conditioner 
(72-78°F)  and  in  winter  by  an  electric  heater  (65-70°F).  The  outside 
walls  were  sprayed  with  at  least  3  inches  of  polyurethane  foam  (PUF), 


ami  PUF  hoard  stock  2  inches  thick  was  used  in  the  floor.  One  of  the 
ITCBs  is  shown  in  Figure  1.  Composition  of  the  ITCB  roofs  arid  their 
location  are  presented  in  Table  1. 

The  plans  for  the  three  different  ITCH  roofs  are  shown  in  figure  2. 
Idle  circled  Ts  indicate  positions  of  thermocouples  used  to  measure 
temperatures  in  and  through  the  roof  sections.  During  construction  of 
the  built-up  roofs,  thermocouples  were  placed  (1)  on  top  of  the  membrane 
(below  top  canting  or  surfacing),  (2)  fie  1  ow  the  membrane  (on  top  of  the 
insulation),  (3)  below  the  insulation  (on  tin-  plywood),  and  (4)  inside 
the  ITCH.  The  outside  air  temperature  above  the  roof  was  also  measured 
(about  3  feet  above  the  roof).  Hourly  temperatures  were  automatically 
recorded  on  a  digital  printout  instrument. 

TF.ST  RESULTS  SUMMER 

ITCB  No.  1:  2-1/2  Inches  Urethane/1  Inch  Perlite  -  Black  Roof  Surface 

ITCB  No.  1  was  designed  to  provide  a  side-by-side  comparison  of 
surface  temperatures  and  temperature  distribution  between  a  highly 
insulated  section  which  substantially  meets  current  energy  criteria  ( 2 - *5 
inches  of  urethane  board  stock)  and  one  which  is  representative  of  past 
usage  (1  inch  of  perlite  hoard  stock).  As  indicated  in  Table  1,  this 
roof  provided  contrasting  thermal  resistance  (R)  values  of  19.2  (urethane) 
and  2.8  (perlite).  Top  surfacings  of  the  two  built-up  roof  sections 
were  (1)  a  flood  coat  of  black  asphalt  or  (2)  white  grave)  (placed  in  a 
flood  coat  of  asphalt).  This  ITCB  was  located  at  a  high  desert  site 
that  is  subject  to  extremely  high  temperatures  in  summer  and  to  moderate 
freezing  temperatures  in  winter. 

Hourly  temperature  data  are  listed  in  Table  2  for  June  7-8,  1978. 
Column  1  lists  t hie  time  of  day,  while  columns  2  and  3  show  the  tempera¬ 
tures  at  the  top  of  the  built-up  roof  with  a  black  surface  over  urethane 
and  perlite,  respectively.  Columns  4  and  5  show  the  same  relationships 
for  the  membrane  with  a  white  gravel  surface.  Columns  6,  7,  8,  and  9 
indicate  the  same  data  just  below  the  membrane,  or  on  top  of  the  insula¬ 
tion.  Columns  10,  11,  12,  and  13  show  temperatures  just  below  the 
insulation,  reflecting  the  relative  effectiveness  of  the  insulation  to 
inhibit  heat  flow.  Columns  14  and  15  register  inside  and  outside  air 
temperatures,  respectively. 

Although  columns  2  and  3  for  both  days  show  temperature  differences 
up  to  20  degrees  at  the  hottest  time  of  the  day  at  the  top  of  the  roof, 
a  more  realistic  comparison  would  include  the  entire  built-up  roof 
membrane  (i.e.,  an  average  of  columns  2  and  6  for  the  membrane  over 
urethane  and  an  average  of  columns  3  and  7  for  the  membrane  over  perlite). 
Figure  3  shows  all  of  the  temperatures  involving  the  built-up  roof  with 
a  black  surface,  using  averages  of  "Top  of  BUR"  and  "Top  of  Insulation" 
to  obtain  membrane  temperatures.  Considering  first  the  membrane  temper¬ 
atures  over  urethane  and  perlite  (open  circles  and  open  squares),  the 
differences  at  the  higher  temperatures  may  not  seem  significant.  Some 
provocative  energy  relationships  are  revealed,  however,  when  the  total 
time-temperature  "envelope"  is  considered.  This  t ime-temperature  envelope 
is  obtained  by  measuring  the  area  under  each  of  the  curves  with  respect 


to  selected  datum  lines.  An  example  is  given  in  simplified  form  in 
Figure  4  which  repeats  the  June  7,  1978  temperature  data  lor  the  urethane 
portion  of  Figure  3  (columns  2,  6,  10,  and  15  of  Table  2). 

Assuming  that  the  temperatures  that  a  roof  experiences  result  from 
exposure  to  the  sun,  then  the  outside  air  temperature  is  a  measure  of 
the  intensity  of  the  sun  for  a  given  day,  influenced  directly  by  clouds 
and  wind  speed.  Accordingly  then,  the  area  ABCDA  in  Figure  4  can  be 
called  a  measure  of  the  "solar  heat  response,"  since  this  area  represents 
how  much  the  membrane  temperature  exceeds  the  outside  air  temperature 
(plus  signs)  during  the  daytime  hours  of  highest  solar  intensity  (i.e., 
between  0800  and  1900). 

The  solid  circles  in  Figure  4  are  the  temperatures  below  the  urethane. 
Asstiming  that  75°F  is  a  reasonable  room  temperature  for  summer  and 
drawing  a  horizontal  line  at  that  temperature,  then  the  area  F.FGE  repre¬ 
sents  a  measure  of  the  "cooling  required"  for  the  hotter  portion  of  that 
day . 

In  early  morning  and  late  evening  the  membrane  temperatures  (open 
circles)  drop  below  the  outside  air  temperatures  (plus  signs)  primarily 
by  radiative  cooling.  Accordingly,  the  areas  HJAH  and  LCKL  represent  a 
measure  of  the  "radiative  cooling"  for  that  day. 

Examination  of  columns  6  and  10  of  Table  2  indicates  that  the 
temperature  of  the  membrane  increases  more  rapidly  than  the  temperature 
below  the  insulation,  due  to  the  very  nature  and  function  of  the  insula¬ 
tion  (nonsteady  state).  It  is  this  time  delay  between  the  instant  of 
highest  temperature  above  and  reaction  to  that  temperature  below  that 
makes  it  very  difficult  to  determine  a  true  instantaneous  temperature- 
drop  across  the  insulation.  Nevertheless,  the  area  MBNFM  between  the 
membrane  temperature  (open  circles)  and  the  temperature  below  the  insula¬ 
tion  (closed  circles)  can  be  used  as  a  measure  of  the  "insulation  effi¬ 
ciency"  relative  to  a  similarly  measured  area  between  the  corresponding 
two  curves  involving  a  different  insulation  on  the  same  roof.  In  winter, 
insulation  efficiency  is  determined  by  measuring  the  areas  between 
membrane  and  below  insulation  temperatures  in  the  early  and  late  daily 
hours  (e.g.,  HVMH  and  LNWL). 

Outside  air  temperatures  over  the  entire  day  not  only  indicate 
relative  heat  or  sun  intensity,  but  also  reflect  the  effects  of  cloud 
cover,  wind  speed,  and  radiation  from  the  membrane  during  early  morning 
and  late  night  hours.  Measurement  of  the  area  under  the  outside  temper¬ 
atures  (plus  signs)  with  respect  to  a  datum  temperature  of  0°F  then 
represents  a  measure  of  the  overall  temperature  severity  of  that  day. 
Referring  to  Figure  4,  the  area  PJDKRP  is  the  area  for  June  7,  1978 
referred  to  40°F;  the  area  between  40°F  and  0°F  must  be  added  to  obtain 
the  total  outside  air  temperature  area  for  that  day.  Similarly,  the 
outside  temperature  area  for  the  hottest  portion  of  the  day  (0800-1900) 
may  be  obtained  by  measuring  the  area  STDCUS  and  adding  to  it  the  area 
from  40°F  to  0°F  for  0800  to  190Q. 

All  hourly  temperatures  for  each  day  were  plotted  on  20  x  20  rec¬ 
tangular  grid  graph  paper,  and  areas  were  measured  with  a  compensating 
polar  planimeter  that  reads  to  four  digits.  One  square  inch  measured 
100.  Each  area  was  measured  three  times  to  minimize  errors  and  to 
obtain  an  average. 

Relative  energy  factors  and  selected  temperatures  for  the  black 
surface  portion  of  the  roof  on  ITCB  No.  1  are  shown  in  Table  3  for 
selected  days  in  late  spring,  summer,  and  early  fall  of  1977  and  1978. 
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Solar  Heat  Response.  Columns  14  and  15  of  Table  3(a)  show  the 
highest  membrane  temperatures  on  the  built-up  roof  membrane  with  a  black 
surface  during  each  day  and  column  16  lists  the  ratio  of  the  temperature 
over  the  urethane  to  the  temperature  over  the  perlite.  Temperature  over 
the  urethane  was  consistently  higher  and  Lhe  ratio  averaged  1.09  (i.e., 
membrane  temperatures  over  the  urethane  averaged  9%  higher  than  over  the 
perlite).  Columns  2  and  3  show  areas  for  solar  heat  response  and  column  4 
indicates  the  ratio  of  the  urethane  portion  to  the  perlite  portion. 

Values  for  the  urethane  portion  were  consistently  higher  and  the  ratios 
averaged  1.29.  This  means  that  in  spite  of  what  appears  to  be  an  insig¬ 
nificant  difference  (9%)  on  the  basis  of  highest  membrane  temperature 
alone,  the  solar  heat  response  of  the  built-up  roof  membrane  over  urethane 
(R  =  19.2)  was  an  average  of  29%  more  than  that  over  the  perlite  (R  =  2.8). 
Variations  of  solar  heat  response  values  in  columns  2  and  3  reflect 
differing  degrees  of  solar  intensity  influenced  by  cloud  cover  and/or 
wind  speed.  Since  solar  heat  response  is  measured  during  the  hotter 
portion  of  the  daytime,  the  data  in  Table  3(a)  are  listed  in  decreasing 
order  of  solar  intensity  in  terms  of  outside  air  temperature  areas  for 
the  period  0800-1900  (column  21). 

Graphical  relationships  between  solar  heat  response  and  outside 
temperature  area  (0800-1900)  for  the  black  surface  membrane  over  urethane 
and  over  perlite  are  shown  in  Figure  5(a)  and  (b),  respectively.  Lines 
shown  are  least  squares  lines.  Figure  5(c)  illustrates  the  relationships 
between  the  two  least  squares  lines,  showing  that  solar  heat  response 
over  the  urethane  is  consistently  higher  and  increases  more  rapidly  as 
the  heat  intensity  increases  (to  the  right). 

Cooling  Required.  Columns  5  and  6  of  Table  3(a)  show  cooling 
required  and  column  7  lists  the  ratio  of  the  urethane  to  perlite  portions. 
As  expected,  considerably  more  cooling  is  required  in  the  perlite  portion 
due  to  the  lower  R-value.  Variations  in  columns  5  and  6  also  reflect 
effects  of  differing  solar  intensity  from  day  to  day.  Ratios  in  column  7 
show  a  trend  toward  lower  values  as  the  heat  intensity  decreases  (i.e., 
toward  the  bottom  of  the  table).  Lines  23  through  26,  days  with  the 
lowest  heat  intensity  (column  21),  show  the  lowest  ratios.  This  seems 
to  indicate  that  the  urethane  insulates  more  efficiently  at  lower  heat 
intensities.  This  is  consistent  with  available  data  which  show  that  the 
apparent  conductivity  of  polyurethane  foam  is  higher  at  100°F  than  at 
60°F  (Ref  5).  More  about  this  is  discussed  later  in  this  report.  The 
average  ratio  in  column  7  is  0.37,  which  means  that  the  perlite  portion 
(R  =  2.8)  requires  an  average  of  1  -r  0.37  =  2.70  times  as  much  cooling 
as  the  urethane  portion  (R  =  19.2).  Note  that  the  ratio  between  R-values 
is  6.86;  there  may  be  an  optimum  economic  thickness  of  insulation  (or 
R-valu°).  Graphically,  Figure  6  shows  cooling  required  for  both  urethane 
and  perlite  portions. 

Radiative  Cooling.  Columns  8  and  9  of  Table  3(a)  list  radiative 
cooling  values  and  column  10  shows  the  ratio  of  urethane  to  perlite. 

Values  over  the  urethane  are  consistently  higher  than  over  the  perlite 
but  there  are  significant  variations  caused  by  the  degree  to  which  the 
evening  and  night  sky  was  clear  or  cloudy.  Ratios  in  column  10  average 
1.28,  suggesting  that  the  built-up  roof  membrane  over  the  urethane 
(R  =  19.2)  radiates  an  average  of  28%  more  than  that  over  the  perlite 
(R  =  2.8).  Figure  7(a)  and  (b)  show  graphical  relationships  between 
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radiative  cooling  and  the  outside  temperature  area  from  0000  to  2400 
(column  22  of  Table  3(a))  for  urethane  and  perlite  portions,  respectively. 
In  both  cases,  the  trend  seems  to  be  toward  lower  values  at  the  extremities 
of  hotter  and  cooler  days  (curving  down  at  left  and  right  ends).  As 
indicated  in  Figure  7(c),  least  squares  lines  for  the  two  show  that 
radiative  cooling  is  higher  in  the  urethane  portion. 

Insulation  Efficiency.  Columns  11  and  12  of  Table  3(a)  show  insula¬ 
tion  efficiency  values  and  column  13  lists  the  ratios  of  urethane  to 
perlite.  As  expected,  the  efficiency  of  the  urethane  (R  =  19.2)  is 
consistently  higher  than  the  perlite  (R  =  2.8).  Ratios  average  1.53, 
suggesting  that  the  efficiency  of  the  urethane  is  an  average  of  only  53% 
higher  than  that  of  the  perlite,  the  rather  significant  R-value  ratio  of 
6.86  between  them  notwithstanding.  As  before,  these  results  suggest 
that  there  may  be  an  optimum  economical  R-value  for  insulation  in  a  roof 
of  this  type.  Figure  8  shows  the  graphical  relationships  between  the 
insulation  efficiencies. 

ITCB  No.  I:  2-1/2  Inches  Urethane/1  Inch  Perlite  -  White  Gravel  Roof 
Surface 

Figure  9  is  a  typical  plot  of  temperatures  involving  a  white  gravel 
roof  surface  for  August  1-2,  1977.  Figure  9  shows  that  differences 
between  membrane  temperatures  over  urethane  and  perlite  are  slight 
compared  with  those  in  Figure  3.  Table  3(b)  is  a  summary  of  energy 
factors  for  the  white  gravel  surface,  tabulated  in  decreasing  order  of 
heat  intensity  as  with  Table  3(a).  Columns  14  and  15  of  Table  3(b)  show 
considerably  lower  temperatures  than  the  corresponding  temperatures  in 
Table  3(a),  because  the  white  gravel  absorbs  much  less  heat  than  the 
black  surface. 

Solar  Heat  Response.  Columns  2  and  3  of  Table  3(b)  show  only 
slight  differences  between  solar  heat  response  of  urethane  and  perlite 
portions.  The  higher  value  alternates  between  the  two  throughout  the 
tabulation.  As  indicated  in  column  4,  the  average  ratio  of  urethane  to 
perlite  is  1.02,  which  is  considerably  less  than  the  corresponding 
average  ratio  of  1.29  found  in  Table  3(a)  for  a  black-surfaced  membrane. 

The  average  ratio  of  1.02  is  the  same  as  the  average  highest  membrane 
temperature  ratio  of  1.02,  shown  in  column  16  of  Table  3(b).  Further 
comparisons  can  be  made  between  Tables  3(b)  and  (a)  by  referring  to 
lines  (or  days)  of  equal  heat  intensity,  such  as  1  and  1,  2  and  2,  3  and 
5,  4  and  6,  5  and  7,  and  so  on. 

Graphical  relationships  of  solar  heat  absorption  for  urethane  and 
perlite  portions  are  presented  in  Figure  10(a)  and  (b) ,  respectively. 

The  effects  of  roof  surfacing  on  solar  heat  absorption  for  ITCB  No.  1 
are  shown  in  Figure  11.  White  gravel  surfacing  is  much  less  sensitive 
to  solar  heat  than  is  the  black.  The  color  contrast  between  black  and 
white  is  the  significant  factor  involved. 

Cooling  Required.  Columns  5  and  6  of  Table  3(b)  indicate,  as 
expected,  that  more  cooling  is  required  in  the  perlite  portion.  Wide 
variations  noted  in  the  values  are  also  reflected  in  the  ratios  in 
column  7.  There  seems  to  be  a  trend  toward  lower  ratios  as  the  heat 
intensity  decreases  (i.e.,  toward  the  bottom  of  the  table).  The  average 
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ratio  is  0 . 37,  which  is  the  same  as  the  average  ratio  shown  in  column  7 
of  Table  1(a)  tor  the  black  surface.  Graphical  relationships  of  cooling 
required  for  a  white  gravel  surface  over  urethane  and  perlite  are  shown 
in  Figure  12(a).  Comparisons  between  black  surface  and  white  gravel 
surface  data  over  urethane  and  over  perlite  are  shown  in  Figure  12(b) 
and  (c),  respectively.  Least  squares  lines  in  Figure  12(b)  are  almost 
parallel,  whereas  the  lines  in  Figure  12(c)  diverge  at  the  higher  heat 
intensities  (right  side  of  graph),  with  the  black  over  perlite  showing 
more  sensitivity  to  heat  than  the  white  gravel  over  perlite. 

Radiative  Cooling.  Columns  8  and  9  of  Table  3(b)  show  significantly 
higher  values  tor  the  urethane  portion.  Ratios  in  column  10  average 
I. 31,  which  is  only  slightly  different  from  the  corresponding  ratio  in 
column  10  of  Table  3(a).  Figure  13(a)  and  (b)  present  graphical  rela¬ 
tionships  between  radiative  cooling  and  the  outside  temperature  area 
(column  22  of  Table  3(b))  for  urethane  and  perlite  portions,  respectively. 
Figure  13(c)  shows  both  least  squares  lines. 

Insulation  Deficiency.  As  expected,  columns  11  and  12  of  Table  3(b) 
show  that  insulation  efficiency  of  the  urethane  portion  is  consistently 
higher  than  over  the  perlite.  The  average  ratio  "f  1.24  shown  in  column  13 
is  somewhat  less  than  the  corresponding  ratio  (1.53)  in  column  13  of 
Table  3(a),  revealing  that  the  advantage  of  the  urethane  portion  is 
dramatically  reduced  hv  the  surfacing  change  from  black  to  white  gravel. 
Insulation  efficiencies  for  the  urethane  and  perlite  portions  with  a 
white  gravel  surface  are  presented  in  Figure  14(a)  and  (b),  respectively. 
Figure  14(c)  shows  that  the  urethane  portion  is  more  efficient  than  the 
perl i te . 

ITCB  No.  2:  2-1/2  Inches  Urethane/1  Inch  Perlite  -  White  Roof  Surface 

As  indicated  in  Table  1,  this  roof  also  provided  contrasting  R-values 
of  19.2  (urethane)  and  2.8  (perlite).  As  shown  in  Figure  2,  top  surfacing 
was  (1)  white,  (2)  aluminum  gray,  or  (3)  gray  gravel.  ITCB  No.  2  was 
placed  in  the  same  high  desert  location  as  ITCB  No.  1. 

A  typical  temperature  plot  for  the  portion  with  a  white  surface  is 
presented  in  Figure  15  for  August  7-8,  1978,  days  of  relatively  high 
heat  intensity.  Relative  energy  factors  are  shown  in  Table  4(a). 

Highest  membrane  temperatures  in  columns  14  and  15  show  little  differences, 
although  that  over  the  urethane  was  always  higher.  The  ratio  between 
the  two  averaged  1.02,  as  shown  in  column  16. 

Solar  Heat  Response.  Columns  2  and  3  of  Table  4(a)  show  consis¬ 
tently  higher  values  for  the  urethane  portion.  At  the  higher  heat 
intensities  (top  lines  of  the  table),  column  4  shows  higher  ratios  and 
the  ratios  decrease  as  the  heat  intensity  decreases  (i.e.,  lines  7 
though  14  of  the  table).  The  ratio  in  line  13  seems  to  be  an  exception. 

The  average  solar  heat  response  ratio  is  1.41  which  means  that  even  with 
white  surfacing,  the  solar  heat  response  of  the  urethane  portion  is  an 
average  of  41%  higher  than  that  in  the  perlite  portion.  During  the 
hotter  days,  as  in  lines  1  through  6,  the  average  ratio  would  be  1.63. 

It  should  be  noted  that  the  order  of  magnitude  of  the  solar  heat  response 
values  in  columns  2  and  3  of  Table  4(a)  is  much  lower  than  those  in  both 
Table  3(a)  and  (b). 


Cooling  Required.  As  expected,  columns  5  and  6  of  Table  4(a)  show 
consistently  more  cooling  required  in  the  perlite  portion.  Ratios  of 
urethane  to  perlite  in  column  7  are  faitly  consistent  through  line  10 
(hotter  days),  but  lines  11  through  14  (less  heat  intensity)  show  dramatic 
decreases  in  ratios.  This  seems  to  indicate  either  that  the  perlite 
(R  =  2.8)  is  less  efficient  as  the  summer  heat  begins  to  cool  or  that 
the  relative  efficiency  of  the  urethane  (R  =  19.2)  increases  as  the  heat 
intensity  reduces.  Overall  average  ratio  is  0.22,  which  means  that  the 
perlite  portion  required  an  average  of  4. 54  (1  ~  0.22)  times  as  much 
cooling  as  t he  urethane  portion  over  a  rather  wide  range  of  heat  inten¬ 
sities. 

Figure  16  shows  graphical  relationships  of  cooling  required  for 
urethane  and  perlite  portions.  The  urethane  portion  (lower  curve)  is 
much  less  sensitive  to  higher  heat  intensities.  The  increasing  divergence 
of  the  curves  as  heat  intensity  increases  (to  the  right)  also  illustrates 
the  superior  efficiency  of  the  urethane  portion  with  higher  thermal 
resistance . 

Radiative  Cooling.  Radiative  cooling  values  are  shown  in  columns  8 
and  9  of  Table  4(a).  In  lines  1  through  6  (higher  heat  intensities)  the 
higher  of  the  two  is  first  in  the  perlite  portion  and  then  in  the  urethane 
portion.  In  lines  7  through  14  the  urethane  values  are  consistently 
higher.  As  indicated  in  column  10,  the  average  ratio  of  urethane  to 
perlite  is  1.04.  Graphical  representations  of  radiative  cooling  for 
urethane  and  perlite  portions  are  shown  in  Figure  17(a)  and  (b)  ,  respec¬ 
tively.  As  noted  before,  the  curves  turn  down  at  the  extremities  of 
heat  intensity.  Figure  17(c)  shows  that  radiative  cooling  over  urethane 
is  slightly  higher  than  over  perlite. 

Insulation  Efficiency.  Columns  11  and  12  of  Table  4(a)  show  con¬ 
sistently  higher  values  of  insulation  efficiency  for  the  urethane  portion, 
as  expected.  Ratios  in  column  13  are  fairly  uniform  and  average  1.55, 
which  suggests  that  the  insulation  efficiency  in  the  urethane  portion  is 
an  average  of  55%  higher  than  in  the  perlite  portion.  Graphical  relation¬ 
ships  between  the  urethane  and  perlite  portions  are  shown  in  Figure  18. 
Convergence  of  the  lines  as  heat  intensity  decreases  (lower  outside 
temperature  area)  reveals  that  for  some  climatic  condition  between 
summer  and  winter,  the  insulation  efficiency  would  be  the  same  for  the 
two.  Winter  relationships  are  discussed  later  in  this  report. 

[ T C B  No.  2:  2-1/2  Inches  Urethane/1  Inch  Perlite  -  Aluminum  Gray  Roof 

Surface 

Figure  19  is  a  temperature  plot  of  the  aluminum  gray  surface  portion 
of  1TCB  No.  2  for  August  7-8,  1978,  two  days  of  very  high  heat  intensity. 

Solar  Heat  Response.  Columns  2  and  3  of  Table  4(b)  show  consis¬ 
tently  higher  values  for  the  urethane  portion,  and  the  ratios  in  column  4 
average  1.22.  Highest  membrane  temperatures  in  columns  14  and  15  also 
show  that  temperatures  over  the  urethane  are  consistently  higher  than 
over  the  perlite,  but  ratios  in  column  16  average  only  1.05,  compared 
with  1.22  (column  4)  for  solar  heat  response.  Figure  20(a)  and  (b)  show 
least  squares  lines  for  solar  heat  response  over  urethane  and  over 
perlite,  respectively.  As  indicated  in  Figure  20(c),  the  two  lines 
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diverge  as  the  heat  intensity  increases  (to  the  right),  showing  that  the 
solar  heat  response  over  the  urethane  increases  faster  than  it  does  over 
the  perlite. 

Cooling  Required.  Columns  5  and  6  of  Table  4(b)  show  consistently 
higher  cooling  required  in  the  perlite  portion,  as  expected.  Ratios  in 
column  7  average  0.31.  Figure  21  shows  graphical  relationships  for 
cooling  required.  Divergence  of  the  least  squares  lines  as  heat  intensity 
increases  (to  the  right)  indicates  greater  sensitivity  of  the  perlite 
portion  to  heat,  as  expected. 

Radiative  Cooling.  Columns  8  and  9  of  Table  4(b)  show  that  during 
the  hotter  days,  lines  1  through  11,  radiation  is  higher  in  the  membrane 
over  the  perlite  than  it  is  over  the  urethane.  The  opposite  is  true  in 
lines  12  through  18,  the  less  heat  intensive  days  in  the  table.  Column  10 
shows  the  ratios  which  average  1.00.  Figure  22(a)  and  (b)  present 
graphical  relationships  of  radiative  cooling  for  the  membrane  portions 
over  urethane  and  perlite,  respectively.  The  least  squares  curves  are 
similar  to  those  in  Figure  7,  showing  that  radiation  decreases  sharply 
as  the  heat  intensity  decreases.  Figure  22(c)  shows  radiation  curves 
for  both  urethane  and  perlite  portions.  Radiative  cooling  is  higher  in 
the  perlite  portion  during  the  hottest  days. 

Insulation  Efficiency.  As  shown  in  columns  11  and  12  of  Table  4(b), 
efficiency  of  the  urethane  is  significantly  higher  than  the  perlite,  as 
expected.  Ratios  in  column  13  average  1.59,  which  means  that  the  urethane 
(R  =  19.2)  is  an  average  of  59%  more  efficient  than  the  perlite  (R  =  2.8). 
Figure  23  shows  least  squares  lines  of  insulation  efficiency  for  both 
urethane  and  perlite.  Efficiency  of  the  urethane  increases  more  rapidly 
than  that  of  the  perlite  as  heat  intensity  increases. 

1TCB  No .  2:  2-1/2  Inches  Urethane/ 1  Inch  Perlite  -  Gray  Gravel  Roof 

Su  r  fa c e 

Figure  24  is  a  plot  of  the  temperatures  of  the  gray  gravel  surface 
portion  of  ITCB  No.  2  for  August  7-8,  1978.  As  in  all  the  other  plots, 
membrane  temperatures  over  the  urethane  are  higher  than  those  over  the 
perlite  in  the  hotter  part  of  the  day.  Table  4(c)  summarizes  the  relative 
energy  factors. 

Solar  Heat  Response.  Columns  2  and  3  of  Table  4(c)  show  that 
except  for  the  last  line  (18)  which  was  a  day  of  relatively  low  heat 
intensity  (column  21),  the  urethane  portion  experienced  more  solar  heat 
than  did  the  perlite  portion.  The  overall  average  ratio  in  column  4  is 
1.15,  which  means  that  the  urethane  portion  contained  an  average  of  15% 
more  solar  heat  than  the  perlite  portion.  Solar  heat  response  over 
urethane  and  perlite  is  shown  in  Figure  25(a)  and  (b) ,  respectively.  In 
Figure  25(c),  which  shows  both  least  squares  lines,  the  steeper  slope  of 
the  line  over  the  urethane  indicates  more  sensitivity  to  solar  heat  at 
the  higher  heat  intensities.  Figure  26(a)  and  (b)  present  least  squares 
lines  of  solar  heat  response  for  all  surfaces  of  ITCB  No.  2  over  urethane 
and  perlite,  respectively.  The  influence  of  the  white  color  in  reducing 
solar  heat  response  is  quite  dramatic. 
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Cooling  Required.  Columns  5  and  6  of  Table  4(c)  show  thal  in  all 
cases  more  cooling  is  required  in  the  perlite  portion.  Ratios  in  column  7 
are  fairly  uniform  except  for  lines  17  and  18,  days  of  lowest  heat 
intensity.  The  overall  average  ratio  is  0.21;  excluding  lines  17  and 
18,  the  average  ratio  is  0.23,  which  means  that  for  16  of  the  days 
selected,  the  perlite  portion  required  4.35  (1  t  0.23)  times  as  much 
cooling  as  the  urethane  portion.  As  indicated  in  Figure  27,  cooling 
required  in  the  urethane  portion  is  much  less  sensitive  to  heat  intensity. 
Figure  28(a)  and  (b)  show  comparisons  of  cooling  required  for  all  three 
surfaces  used  on  ITCB  No.  2  over  urethane  and  perlite,  respectively.  In 
both  cases,  the  portion  with  the  aluminum  gray  required  the  most  cooling 
while  the  white  portion  required  the  least. 

Radiative  Cooling.  Columns  8  and  9  of  Table  4(c)  show  that,  except 
for  lines  15,  17,  and  18,  the  membrane  over  the  perlite  radiates  more 
than  that  over  the  uiethane.  Ratios  in  column  10  average  0.92,  showing 
mild  variations.  Figure  29(a)  and  (b)  present  graphical  representations 
of  radiative  cooling  over  urethane  and  perlite,  respectively.  Figure  29(c) 
shows  that  radiative  cooling  in  the  perlite  portion  is  higher  at  the 
higher  heat  intensities.  Radiative  cooling  relationships  for  all  three 
surfaces  on  ITCB  No.  2  are  presented  in  Figure  30.  Throughout  all  heat 
intensities,  radiative  cooling  is  significantly  higher  in  the  portion 
with  a  white  surface. 

Insulation  Efficiency.  As  expected,  columns  11  and  12  of  Table  4(c) 
show  that  the  urethane  portion  is  considerably  more  efficient  than  the 
perlite.  Ratios  in  column  13  are  fairly  uniform  and  average  1.52. 

Least  squares  lines  of  insulation  efficiency  for  urethane  and  perlite 
portions  are  shown  in  Figure  31. 

ITCB  No.  3:  1  Inch  Urethane/ 1 - 7/8  Inches  Glass  Fiber  -  Black  Roof 

Surface 

As  indicated  in  Table  1,  this  roof  provided  R-values  of  7.1  and  7.7 
for  urethane  and  glass  fiber  portions,  respectively.  Top  surfacing  was 
(1)  black  asphalt  or  (2)  gray  gravel.  ITCB  No.  3  was  located  at  CEL, 

Port  Hueneme,  Calif.,  a  seashore  site  where  moderate  summer  and  winter 
temperatures  prevail.  Relative  energy  factors  for  the  black  surface  are 
shown  in  Table  5(a)  and  black  surface  temperatures  for  June  9-10,  1979 
are  presented  in  Figure  32. 

Solar  Heat  Response.  Columns  2  and  3  of  Table  5(a)  show  only  minor 
differences  in  solar  heat  response  between  the  portions  over  urethane 
and  glass  fiber.  Ratios  of  glass  fiber  to  urethane  in  column  4  average 
1.01.  Highest  membrane  temperatures  in  columns  14  and  15  also  show 
minor  differences,  with  the  higher  of  the  two  also  alternating  from  one 
to  the  other. 

Cooling  Required.  Columns  5  and  6  of  Table  5(a)  show  very  little 
difference  between  the  two  for  cooling  required.  At  the  higher  heat 
intensities,  lines  1  through  6,  the  values  over  urethane  are  higher 
(except  for  line  5).  At  lower  heat  intensities,  values  over  glass  fiber 
are  higher.  Ratios  average  1.01. 
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Kadiat i ve_Coo lj ng .  Columns  8  and  9  of  Table  5(a)  show  consistently 
higher  radiation  in  the  gLass  fiber  portion.  Ratios  in  column  10  average 
1.24,  which  means  that  radiative  cooling  in  the  membrane  over  glass 
fiber  was  1.24  times  as  high  as  that  over  the  urethane. 

I nsu laj. i^on  Ef f iciency .  Columns  11  and  12  of  Table  5(a)  show  rela¬ 
tively  minor  differences  between  the  two  over  all  the  heat  intensities. 

The  highest  differences  seem  to  be  in  the  moderate  heat  intensity  range, 
lines  5  through  7,  where  the  efficiency  of  the  glass  fiber  is  higher. 

Ratios  in  column  13  average  1.01. 

ITCB  No. ^3: _ 1  Inch  Urethane/ 1-7/8  Inches  Glass  Fiber  -  Gray  Gravel 

Roof  Surface 

Gray  gravel  surface  temperatures  for  June  9-10,  1979  are  shown  in 
Figure  33.  Except  for  the  membrane  temperatures  during  the  hottest  part 
of  the  day,  there  are  very  little  differences  between  the  urethane  and 
glass  fiber  temperatures.  Relative  energy  factors  are  presented  in 
Table  5(b). 

SoJ.ar  Heat  Response.  Columns  2  and  3  of  Table  5(b)  show  consis¬ 
tently  higher  values  for  the  membrane  over  glass  fiber.  Column  4  indi¬ 
cates  an  average  ratio  of  1.09.  Except  for  line  9,  highest  membrane 
temperatures  in  columns  14  and  15  are  over  the  glass  fiber.  Ratios  in 
column  16  average  1.02. 

Cooling  Required.  Columns  5  and  6  of  Table  5(b)  show  moderate 
variations,  with  the  higher  of  the  two  switching  from  one  to  the  other. 

The  ratio  of  glass  fiber  to  urethane  in  column  7  averages  0.96. 

Radiative  Cooling.  Columns  8  and  9  of  Table  5(b)  indicate  that  in 
six  of  the  10  lines,  the  membrane  over  the  urethane  radiates  more  than 
that  over  the  glass  fiber;  in  line  10  they  are  equal  and  in  the  other 
three  lines  the  membrane  over  the  glass  fiber  radiates  more.  Ratios  in 
column  10  average  0.97. 

Insulation  Efficiency.  Columns  II  and  12  of  Table  5(b)  reveal  that 
the  efficiency  of  the  glass  fiber  is  consistently  higher  than  the  urethane. 
Ratios  in  column  13  are  fairly  uniform  and  average  1.13,  which  means 
that  the  glass  fiber  portion  is  an  average  of  13%  more  efficient  than 
the  urethane  portion. 


TEST  RESULTS  -  WINTER 

ITCB  No .  2:  2-1/2  Inches  Urethane/1  Inch  Perlite  -  White  Roof  Surface 

White  surface  temperatures  for  December  7-8,  1978  are  shown  in 
Figure  34.  Target  interior  temperature  for  measurement  of  heating 
required  is  68°F,  whereas  the  target  interior  temperature  for  cooling 
(summer)  was  75°F.  Relative  energy  factors  are  presented  in  Table  6(a) 
which  lists  the  coldest  days  at  the  top,  based  on  outside  temperature 
area  from  0000  to  2400  (column  22). 
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Solar  Heat  Response .  Columns  2  and  3  of  Table  6(a)  show  low  values 
of  solar  heat  response  as  might  be  expected  in  winter  with  a  white 
surface.  Values  over  the  perlite  portion  were  consistently  higher  than 
over  the  urethane,  whereas  in  summer,  the  opposite  was  true  (see  columns  2, 
3,  and  4  of  Table  4(a)).  Based  on  summer  results,  it  was  expected  that 
the  urethane  portion  with  a  white  surface  would  contain  slightly  more 
heat  than  the  perlite  portion  on  a  winter  day,  but  that  slight  advantage 
is  more  than  overcome  by  the  higher  temperature  in  the  membrane  over  the 
perlite  shown  from  0000  to  0800  in  Figure  34.  Higher  radiative  cooling 
in  the  membrane  over  the  urethane  (columns  8  and  9  of  Table  6(a)),  as 
well  as  higher  heat  conduction  through  the  perlite,  makes  the  perlite 
portion  warmer  than  the  urethane  portion. 

ll^a t  i  ng^  Required .  The  areas  between  the  "below  urethane"  and 
"below  perlite"  temperature  plots  and  the  horizontal  line  lor  68°F 
represent  heating  required  for  the  urethane  and  perlite  portions,  respec¬ 
tively.  Columns  5  and  6  of  Table  6(a)  show  that  consistently  more  heat 
is  required  in  the  perlite  portion,  as  expected.  Ratios  of  urethane  to 
perlite  in  column  7  average  0.47  and  indicate  a  trend  toward  lower 
ratios  in  the  warmer  winter  days  (line's  5  and  6). 

Radi  at ive  Coojing.  Columns  8  and  9  of  Table  6(a)  show  consistently 
higher  radiation  in  the  membrane  over  the  urethane.  Ratios  in  column  10 
average  2.08  hut  indicate  a  trend  toward  higher  values  as  days  are 
warmer  (lines  5  and  6). 

Insulation  Efficiency .  Columns  11  and  12  of  Table  6(a)  show  that 
the  urethane  portion  is  consistently  more  efficient.  Ratios  in  column  13 
are  fairly  uniform  and  average  1.61.  This  ratio  compares  favorably  with 
the  corresponding  ratio  for  insulation  efficiency  shown  in  column  13  of 
Table  4(a). 

ITCB  No.  2:  2-1/2  Inches  Urethane/J  Inch  Perlite  -  Aluminum  Gray  Roof 

Surface 

Aluminum  gray  surface  temperatures  for  December  7-8,  1978  are  shown 
in  Figure  35.  Relative  energy  factors  are  presented  in  Table  6(b). 

Solar  Heat  Response.  Columns  2  and  3  of  Table  6(b)  show  that 
neither  of  the  two  is  consistently  higher  than  the  other,  although  solar 
heat  response  in  the  membrane  over  urethane  is  higher  in  four  of  the  six 
cases.  Ratios  of  urethane  to  perlite  in  column  4  are  fairly  low,  indi¬ 
cating  very  little  difference  between  the  two. 

Hea^ng  Required.  Columns  5  and  6  of  Table  6(b)  show  consistently 
higher  values  in  the  perlite  portion.  Ratios  of  urethane  to  perlite 
indicated  in  column  7  average  0.57,  with  a  trend  toward  higher  values  in 
warmer  days  (lines  5  and  6). 

Radiative  CooJ^inj*.  Columns  8  and  9  of  Table  6(b)  show  that  radia¬ 
tion  is  consistently  higher  in  the  membrane  over  urethane.  Ratios  in 
column  10  indicate  considerable  variations,  with  extreme  values  on 
warmer  days  (lines  5  and  6). 
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Insulation  Efficiency.  Columns  11  and  12  of  Table  6(b)  show  con¬ 
sistently  higher  efficiency  of  the  urethane  portion,  as  expected. 

Ratios  in  column  13  are  fairly  uniform,  averaging  1.57.  This  compares 
quite  favorably  with  the  average  ratio  in  column  13  of  Table  4(b)  for 
summer . 

1TCB  No .2 :  2-1/2  Inches  Urethane/1  Inch  Perlite  -  Gray  Gravel  Roof 

Surface 

Gray  gravel  surface  temperatures  for  December  7-8,  1978  are  quite 
similar  to  those  shown  in  Figure  35  for  the  aluminum  gray  surface. 

Relative  energy  factors  are  shown  in  Table  6(c). 

Solar  Heat  Response .  Columns  2  and  3  of  Table  6(c)  show  consis¬ 
tently  higher  heat  response  in  the  perlite  portion.  Ratios  of  urethane 
to  perlite  indicated  in  column  4  average  0.90.  Figure  36(a)  and  (b) 
present  solar  heat  response  least  squares  lines  for  all  three  surfaces 
of  1TCB  No.  2  over  urethane  and  perlite,  respectively.  Of  the  three 
surfaces,  aluminum  gray  experiences  the  most  heat  and  white  the  least. 

This  same  relationship  among  aluminum  gray,  gray  gravel,  and  white  was 
ohserved  in  Figure  26  for  summer  conditions. 

Heating  Required.  Columns  5  and  6  of  Table  6(c)  show  that  the 
perlite  portion  requires  consistently  more  heating  than  the  urethane 
portion.  Ratios  of  urethane  to  perlite  in  column  7  average  0.58. 

Figure  37(a)  and  (b)  present  least  squares  lines  of  heating  required  for 
all  surfaces  over  urethane  and  perlite,  respectively .  The  gray  gravel 
surface  required  the  most  heating  over  urethane  (Figure  37(a)),  while 
the  white  surface  required  the  most  over  perlite  (Figure  37(b)). 

Radiative  Cooling.  Columns  8  and  9  of  Table  6(c)  show  that  the 
urethane  portion  radiates  ions i stent  1 v  more  heat  than  the  perlite  portion. 
The  warmer  days  show  extreme  variations  (lines  5  and  6).  Ratios  in 
column  10  average  9.94,  but  the  ratios  for  lines  5  and  6  are  so  large 
that  the  overall  average  has  little  significance.  The  average  ratio  of 
the  first  four  lines  is  2.17.  Figure  38(a)  and  (b)  show  least  squares 
lines  of  radiative  cooling  for  all  surfaces  over  urethane  and  perlite, 
respectively.  Both  over  urethane  and  over  perlite,  the  white  surface 
radiates  the  most  and  the  aluminum  gray  the  least. 

Insulation  Efficiency.  Columns  11  and  12  of  Table  6(c)  show  that 
the  urethane  portion  is  consistently  more  efficient  than  the  perlite 
portion  Ratios  in  column  13  are  fairly  uniform  and  average  1.64. 

Figure  39(a)  and  (b)  show  least  squares  lint's  of  insulation  efficiency 
over  urethane  and  perlite,  respectively.  Over  both  urethane  and  perlite, 
the  white  surface  is  most  efficient.  Over  urethane  the  aluminum  gray 
and  gray  gravel  surfaces  indicate  about  the  same  efficiency  (Figure  39(a)), 
while  the  aluminum  gray  is  slightly  more  efficient  over  perlite  than  the 
gray  gravel  (Figure  39(b)). 
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GENERAL  DISCUSSION  OF  TEST  RESULTS 


Solar  Heat  Response 

Each  of  the  26  lines  in  Table  3(a)  represents  one  day,  so  the 
average  shown  at  the  bottom  of  the  table  is  a  daily  average  over  a  wide 
range  of  summer  heat  intensities.  Plotting  of  daily  values  yields  least 
squares  lines  as  in  Figure  5.  Figure  40  is  a  compilation  of  the  pertinent 
portions  of  Figures  11  and  26.  Figure  40(a)  shows  the  relationships 
over  urethane,  while  Figure  40(b)  presents  relationships  over  perlite. 

The  gap  between  white  gravel  and  white  surfaces  is  probably  due  to  the 
"heat  sink"  capacity  of  the  "gravel"  portion  of  the  white  gravel. 

Table  7  was  constructed  by  obtaining  the  intercepts  of  the  least 
squares  lines  in  Figure  40  with  selected  outside  temperature  area  values 
(measure  of  heat  intensity).  For  a  built-up  roof  with  a  black  surface, 
the  average  solar  heat  response  shown  in  column  4  of  Table  7  (1.27) 
compares  favorably  with  the  average  in  column  4  of  Table  3(a)  (1.29). 

The  overall  average  of  1.27  in  Table  7  means  that  over  a  wide  range  of 
heat  intensities,  the  black-surfaced  membrane  over  urethane  (R  =  19.2) 
contained  an  average  of  27%  more  solar  heat  response  than  the  membrane 
over  perlite  (R  =  2.8).  One  of  the  purposes  of  this  study  was  to  deter¬ 
mine  whether  the  increased  thermal  insulation  required  to  meet  demands 
for  energy  conservation  would  affect  life  and  performance  of  built-up 
roof  membranes  placed  over  it.  The  authors  believe  that  an  increase  of 
27%  in  solar  heat  response  in  a  built-up  roof  with  a  black  surface  will 
reduce  significantly  the  effective  life  by  accelerating  decomposition  of 
the  bitumen,  thereby  contributing  to  early  embrittlement  and  premature 
loss  of  flexibility  of  the  membrane.  The  extra  heat  will  also  accelerate 
formation  of  blisters.  Measurement  of  progressive  embrittlement  of 
asphalt  was  not  possible  in  the  relatively  short  timeframe  of  the  study. 

Average  ratios  for  other  surfacings  in  Table  7  indicate  (1)  1.21 
for  aluminum  gray,  (2)  1.13  for  gray  gravel,  (3)  1.01  for  white  gravel, 
and  (4)  1.31  for  white.  Except  for  white  gravel  (1.01),  these  ratios 
are  considered  significant.  In  most  cases,  the  ratios  for  hottest 
weather  (top  lines)  are  higher.  One  way  to  minimize  solar  heat  response 
when  the  thermal  resistance  to  heat  flow  must  be  increased  is  to  place  a 
portion  of  the  insulation  in  the  ceiling  rather  than  putting  all  of  it 
on  the  roof. 

The  rather  dramatic  influence  of  surface  color  on  solar  heat  response 
is  evident  in  both  Figure  40(a)  and  (b).  Table  8(a)  and  (b)  show  reduc¬ 
tions  in  solar  heat  response  due  to  roof  surfacing  over  urethane  and 
perlite,  respectively.  Columns  2  through  6  in  Table  8(a)  and  (b)  came 
from  Table  7.  For  example,  values  in  column  2  of  Table  8(a)  are  identical 
to  those  in  column  2  of  Table  7.  Likewise,  values  in  column  2  of  Table 
8(b)  are  identical  to  those  in  column  3  of  Table  7.  Table  8(a)  shows 
that  at  the  highest  heat  intensity  (top  line  of  the  table)  solar  heat 
response  in  a  4-ply  built-up  roof  over  2-1/2  inches  of  urethane  insulation 
can  be  reduced  (1)  33.0%  (column  7)  by  changing  from  black  to  aluminum 
gray,  (2)  34.1%  (column  8)  by  changing  from  black  to  gray  gravel,  (3)  64.8% 
(column  9)  by  changing  from  black  to  white  gravel,  and  (4)  89.4%  (column  10) 
by  changing  from  black  to  white.  Likewise,  columns  11  through  13  list 
reductions  by  changing  from  aluminum  gray  to  gray  gravel,  white  gravel, 
and  white,  respectively.  Columns  14  and  15  show  reductions  by  changing 
from  gray  gravel  to  white  gravel  and  white,  respectively.  Column  16 
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shows  reductions  by  changing  from  white  gravel  to  white.  Obviously,  a 
few  of  those  changes  in  surfac ings  shown  in  Table  8  would  be  impractical, 
but  most  of  them  present  reasonable  alternatives  to  drastic  roofing 
alterations  to  reduce  energy  consumption.  Average  reductions  for  the 
surface  changes  are  shown  in  the  last  line  of  Table  8(a). 

Table  8(b)  reveals  the  same  data  for  a  4-ply  built-up  roof  over 
1  inch  of  perlite  insulation.  These  results  are  even  more  significant 
than  those  over  urethane  because  many  older  roofs  have  1  inch  of  perlite 
or  equivalent  thermal  resistance.  Depending  on  present  surfacing, 
average  reductions  in  solar  heat  response  up  to  89.2%  (last  line  of 
column  10)  can  be  achieved  simply  by  changing  surfacing,  in  this  case 
from  black  to  white.  Such  a  reduction  in  solar  heat  response  will 
reduce  significantly  the  air  conditioner  loads  during  times  of  high 
summer  heat. 

To  translate  such  reductions  in  solar  heat  response  over  perlite 
into  more  meaningful  terms.  Table  9  and  Figure  41  were  prepared.  Values 
for  columns  2  through  7  of  Table  9  came  from  Table  8  and  Figures  6,  21, 

27,  and  40.  Figure  41  is  a  plot  of  data  in  columns  2  through  7  of 
Table  9.  Using  the  average  reductions  in  solar  heat  response  presented 
in  Table  8(b),  Table  10  was  constructed  to  show  reductions  in  cooling 
required  which  correspond  to  certain  reductions  in  solar  heat  response. 
Referring  to  Table  10(a),  the  solar  heat  response  value  of  700  in  line  1 
of  column  3  is  the  highest  solar  heat  response  obtainable  with  the 
"black  over  perlite"  curve  in  Figure  41.  From  Figure  41,  the  corres¬ 
ponding  cooling  required  (495)  is  entered  on  line  1  of  column  4. 

When  the  surface  is  changed  from  black  to  aluminum  gray,  column  7 
of  Table  8(b)  indicates  an  average  reduction  of  34.1%  in  solar  heat 
response;  this  figure  is  entered  in  line  3  of  column  3  in  Table  10.  The 
reduced  solar  heat  response  for  line  2  of  column  3  can  then  be  calculated: 
700  x  (1.00  -  0.341)  =  461.  Using  the  "black  over  perlite"  curve  in 
Figure  41,  the  cooling  required  corresponding  to  a  solar  heat  response 
of  461  is  226;  this  value  is  entered  on  line  2  of  column  4  in  Table  10. 

The  reduction  in  cooling  required  which  corresponds  to  a  34.1%  reduction 
in  solar  heat  response  is  then  calculated  as  follows:  495  -  226  t 
495  x  100  =  54.3%.  Thus  a  change  in  surface  from  black  to  aluminum  gray 
reduces  the  solar  heat  response  by  34.1%  but  also  reduces  cooling  required 
by  54.3%.  Similarly,  column  10  of  Table  10  shows  that  a  change  from 
black  to  white  reduces  cooling  required  by  93.1%. 

Table  10(b)  and  (c)  show  reductions  in  cooling  required  when  roof 
surface  is  changed  from  aluminum  gray  and  from  gray  gravel,  respec¬ 
tively.  Admittedly,  some  of  the  changes  are  impractical,  but  all  are 
presented  for  completeness. 

When  aluminum  gray  is  changed  to  white.  Table  8(b)  shows  a  reduction 
of  83.4%  (column  13)  in  solar  heat  response  and  Table  10(b)  indicates  a 
corresponding  reduction  of  °4.1%  (column  8)  in  cooling  required.  In 
winter,  the  eflects  of  changing  from  aluminum  gray  to  white  are  somewhat 
different.  Table  6  showi  relative  energy  factors  for  winter.  In  this 
discussion,  the  most  impirtant  energy  factor  is  heating  required,  because 
it  is  involved  throughout  the  entire  day,  0000  to  2400,  as  shown  in 
Figures  34  and  35.  Figi  re  37  presents  appropriate  data  for  winter. 

Table  11  was  constructei  by  taking  intercepts  of  the  lines  on  Figure  37(b) 
with  selected  outside  temperature  area  values.  Data  corresponding  to 
the  coldest  weather  apjear  on  thr  top  line  of  Table  11. 
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Columns  2  and  4  of  Table  11  show  heating  required.  Ratios  of  white 
to  aluminum  gray  are  listed  in  column  6.  In  the  coldest  weather  (top 
line)  the  ratio  is  1.16  which  means  that  a  change  from  aluminum  gray  to 
white  would  result  in  heating  requirement  16%  higher.  The  overall 
average  increase  of  19%  shown  at  the  bottom  of  column  6  does  not  approach 
the  order  of  magnitude  of  the  reduction  in  cooling  required  in  summer 
(94.1%).  Since  we  are  dealing  with  time-temperature  "areas"  and  not 
"heat  units,"  these  comparisons  must  be  viewed  as  relative. 

Radial ive  Cooling 

Figure  42(a)  and  (b)  show  radiative  cooling  relationships  for  all 
surfaces  of  ITCB  No.  1  and  No.  2  over  urethane  and  over  perlite,  respec¬ 
tively.  Except  for  the  coolest  temperatures  (left  side  of  graph),  the 
white  surface  shows  highest  radiative  cooling  in  both  cases.  Columns  2 
through  6  of  Table  12(a)  and  (b)  give  the  ordinates  on  the  respective 
curves  corresponding  to  the  outside  temperature  values  shown  in  column  1 
over  urethane  and  perlite,  respectively.  Columns  7  through  10  show 
ratios  between  radiative  cooling  for  the  gray  gravel  surface  and  the 
other  surfaces.  Average  ratios  in  Table  12  show  little  differences 
between  gray  gravel  and  aluminum  gray  (column  7)  but  increasing  differ¬ 
ences  for  the  other  surfaces,  with  the  white  surface  having  the  highest 
ratio  both  over  urethane  (1.92)  and  over  perlite  (1.67). 

For  a  given  surface,  differences  in  radiative  cooling  over  urethane 
and  over  perlite  are  pr  .ented  in  Table  13.  Radiative  cooling  data  for 
Table  13  came  from  Table  12.  For  example,  column  2  of  Table  13  came 
from  column  5  of  Table  12(a)  and  column  3  of  Table  13  came  from  column  5 
of  Table  12(b).  For  each  of  the  surfaces,  the  third  column  (4,  7,  10, 

13,  and  16)  shows  ratios  between  urethane  and  perlite.  Overall  average 
ratios  show  that  with  black  (column  4),  white  gravel  (column  7),  and 
white  (column  10),  radiative  cooling  is  higher  over  the  urethane  (R  =  19.2) 
than  the  perlite  (K  =  2.8)  by  28%,  27%,  and  6%,  respectively.  Radiative 
cooling  over  perlite  is  slightly  higher  than  over  the  urethane  in  membranes 
with  surfaces  of  aluminum  gray  (column  13)  and  gray  gravel  (column  16). 

Table  6  shows  that  in  winter  the  radiative  cooling  for  all  surfaces 
is  consistently  higher  in  the  membrane  over  urethane.  As  in  the  summer, 
the  highest  radiative  cooling  took  place  in  the  membrane  with  a  white 
surface . 

Since  all  measurements  and  analyses  in  this  study  were  conducted 
under  non-steady  state  conditions,  it  is  not  expected  that  heat  flow 
equations  based  on  steady  state  assumptions  will  apply.  The  authors 
acknowledge  the  basic  value  of  mathematical  equations  for  expressing 
engineering  phenomena.  We  believe  that  experiments  in  the  "real  world" 
also  contribute  to  the  general  store  of  knowledge  and  sometimes  open 
doors  to  new  approaches  to  understanding  these  phenomena. 

It  has  been  suggested  that  the  heat  capacity  (specific  heat)  of 
insulation  has  a  profound  influence  on  the  surface  temperatures  it 
experiences.  That  is,  a  built-up  roof  containing  an  insulation  with  a 
high  heat  capacity  would  be  expected  to  show  higher  surface  temperatures 
than  one  containing  an  insulation  with  a  low  heat  capacity.  Thus,  if 
urethane  has  a  significantly  higher  heat  capacity  than  perlite,  the 
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built-up  roof  over  urethane  should  show  higher  temperatures.  An  inves¬ 
tigation  of  measured  or  observed  specific  heat  values  shows  that  there 
is  considerable  confusion  as  to  what  the  values  are  for  any  of  the 
customary  insulations  used  in  roofing.  Some  authorities  show  a  higher 
specific  heat  for  urethane  than  for  perlite  and  other  sources  show  that 
they  are  about  the  same.  Still,  others  do  not  show  any  specific  heats 
at  all.  The  authors  believe  that  until  the  true  specific  heats  can  be 
determined,  this  matter  must  remain  unresolved.  From  the  data  presented 
in  this  report,  a  built-up  roof  over  2-1/2  inches  of  urethane  will  be 
considerably  hotter  than  one  over  1  inch  of  perlite. 


CONCLUSIONS 

1.  Other  things  being  equal,  a  built-up  roof  membrane  placed  over 
insulation  with  high  thermal  resistance  will  be  subjected  to  significantly 
higher  temperatures  than  one  placed  over  insulation  with  a  low  thermal 
resistance.  These  higher  temperatures  are  likely  to  reduce  the  service 
life  of  a  black  roof  by  accelerating  decomposition  and  embrittlement  of 
bitumens.  Higher  temperatures  will  occur  whether  the  high  thermal 
resistance  is  obtained  with  one  thickness  of  board  stock  or  with  multiple 
layers  and  regardless  of  the  roof  surfacing,  although  some  light  colored 
surfacings  greatly  reduce  the  order  of  magnitude  and  overall  effect  of 
the  higher  temperatures. 

2.  Color  and  type  of  roof  surfacing  directly  affect  the  solar  heat 
response  and  radiative  cooling  of  a  built-up  roof.  To  minimize  membrane 
temperature  effects  on  built-up  roofs,  surfacings  in  order  of  best  to 
worst  are  (1)  white,  (2)  white  gravel,  (3)  gray  gravel,  (4)  aluminum 
gray,  and  (5)  black. 

3.  Over  a  wide  range  of  heat  intensities,  the  black-surfaced  membrane 
over  urethane  (K  =  19.2)  showed  an  average  of  27%  higher  solar  heat 
response  than  the  membrane  over  perliti  (R  =  2.8). 

4.  At  the  highest  heat  intensities  in  summer,  solar  heat  response  in  a 
4-ply  built-up  roof  over  2-^  inches  of  urethane  can  be  reduced  (1)  33.0% 
by  changing  the  top  surfacing  from  black  to  aluminum  gray,  (2)  34.1%  by 
changing  from  black  to  gray  gravel,  (3)  64.8%  by  changing  from  black  to 
white  gravel,  and  (4)  89.4%  by  changing  from  black  to  white.  Over  the 
whole  range  of  heat  intensities,  the  average  reduction  in  solar  heat 
response  by  changing  from  black  to  white  is  88.8%. 

5.  At  the  highest  heat  intensities  in  summer,  solar  heat  response  in  a 
4-ply  built-up  roof  over  1  inch  of  perlite  can  be  reduced  (1)  29.5%  by 
changing  top  surfacing  from  black  to  aluminum  gray,  (2)  30.9%  by  changing 
from  black  to  gray  gravel,  (3)  56.1%  by  changing  from  black  to  white 
gravel,  and  (4)  89.9%  by  changing  from  black  to  white.  Over  the  whole 
range  of  heat  intensities,  the  average  reduction  in  solar  heat  response 
by  changing  from  black  to  white  is  89.2%. 

6.  Reductions  in  solar  heat  response  also  result  in  corresponding 
reductions  in  cooling  required.  Over  1  inch  of  perlite,  an  average 
reduction  of  89.2%  in  solar  heat  response  when  black  is  changed  to  white 
also  results  in  a  93.1%  reduction  in  cooling  required. 
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7.  Advantages  gained  by  changing  surfacing  to  reduce  solar  heat  response 
and  cooling  required  in  summer  far  outweigh  the  corresponding  slight 
increases  in  heat  required  in  winter. 

8.  There  may  be  an  optimum  economic  thickness  of  insulation  for  a  given 
type  of  built-up  roof. 

RECOMMENDATIONS 

1.  When  it  is  necessary  to  improve  thermal  resistance  of  an  existing 
roof  to  reduce  energy  consumption,  serious  consideration  should  be  given 
to  changing  the  surfacing  to  a  lighter  color  as  an  alternative  to  more 
expensive  reroofing.  Another  alternative  is  to  place  additional  insula¬ 
tion  in  the  ceiling  to  avoid  increasing  the  membrane  temperatures  by 
adding  insulation  to  the  roof. 

2.  When  possible  in  new  roof  design,  it  is  recommended  that  provisions 
be  made  to  place  the  bulk  of  the  insulation  in  the  ceiling  rather  than 
on  the  roof. 

3.  When  there  is  no  ventilated  area  with  a  ceiling  and  all  insulation 
required  for  energy  conservation  must  be  placed  on  the  roof,  it  is 
strongly  recommended  that  it  have  the  lightest  colored  surfacing  commen¬ 
surate  with  the  design.  For  example,  if  the  roof  is  to  be  smooth  surfaced, 
a  white  coating  should  be  specified;  if  the  roof  is  to  be  gravelled, 
white  gravel  (limestone)  is  preferred. 

4.  To  determine  the  optimum  economic  thickness  of  insulation,  studies 
of  the  type  reported  herein  should  be  made  on  built-up  roofs  containing 
at  least  three  different  thicknesses  of  the  same  insulation  type. 

5.  Comparable  studies  should  be  made  of  spray-applied  polyurethane  foam 
roofs  to  determine  temperature-time  effects  of  various  foam-coating 
combinations . 
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Table  5.  Relative  Knerr.v  Factors  Defined  be  Measured  Areas:  ITC15  No.  3,  Summer 


Radiative  Cooling  is  the  area  of  that  portion  of  the  membrane  temperature  pi  o' 
Insulation  Efficiency  is  the  area  of  that  portion  of  the  membrane  temperature 
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igure  17,  Radiative  cooling  in  urethane/perlite  built  -  up  roof,  white  'urface,  ITO.B  No. 
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Figure  33.  (Iray  gravel  surface  temperatures  in  urethane/glass  fiber  built-up  roof  for  June 
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higure  41  Relationships  between  solar  heat  response  and  cooling  required  in  membrane  over  perlite, 
ITCB  No.  1  and  No.  2.  summer. 


Figure  42.  Radiative  cooling  in  urcthanc/perlite  built  -  up  roof,  all  surfaces,  I  TCH  No.  I  and  No.  2,  summer 
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